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NOTES: 


1. FOR LEGEND* GENERAL NOTES, AND ABBREVIATIONS, 
SEE DRAWING E-1. 

2. WIRING DIAGRAMS SHOWN ARE SCHEMATIC 
REPRESENTATIONS FOR CONNECTIONS ONLY. 

3. INSULATE SHIELD ft DRAIN WIRE AS SHOWN ON 
TYPICAL SHIELD/DRAIN INSULATING METHOD SHOWN 
ON DRAWING E-3. 

4. SHIELD MUST BE CONTINUOUS AND INSULATED 
FROM BOXES, CONDUITS, ETC.. 

5. CIRCUIT NOTATION FOLLOWED BY AN * IS SHOWN 
FOR ILLUSTRATION ONLY. SEE RISER DIAGRAMS 
FOR ACTUAL CIRCUIT IDENTIFICATION. 
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NOTE: 

PRIOR TO INSTALLATION ALL CABINET PENETRATIONS 
SHALL BE COORDINATED WITH THE ENGINEER. 
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NOTE: 

PRIOR TO INSTALLATION ALL CABINET PENETRATIONS 
SHALL BE COORDINATED WITH THE ENGINEER. 


RESERVED FOR FUTURE 
CIRCUIT EXTENSION 



\SfHT 
GRN 
BLK 


1 


INPUT2 


0UT4 


0UT3 


0UT2 


0UT1 


INPUT1 

EOL 
24KQ 


TB2 



F.C.O. SUPPORTED 


ON CHANNEL (TYPICAL) 
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TYPICAL PAP WIR 



TYPICAL FOR ERP-6A IN ELEC. CLOSET "A" 
AND ERP-3F. ERP-6F IN ELEC. CLOSET *F 
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